would smoke where it contacted the water.  He had been
shocked "quite a lot."  It hurt and numbed his body.  He
reported these conditions to Champ but Champ told him to
"keep running it" and nothing was done to correct the problem.

Gerry Michael Coots was a roof bolter operator at the
mine until December 27, 1984,  He observed that the trailing
cable on the roof bolter was also then "not in that good a
shape."  The splices were "raggedy" and the tape had been
torn off exposing "bare wires."  He had seen this cable smoke
where it was lying in the water and had been "juiced" while
handling the cable.

MSHA Inspector Sylus Adams, inspected the subject mine
on October 15 and 16, 1984 and on January 10 and 28, 1985.
On the latter occasion he cited a violation for a temporary
splice on the trailing cable within 25 feet of the miner.
According to Adams the trailing cable carried 480 volts and a
person could be shocked holding a wet cable even 3 to 4 feet
from a bad splice.  On his earlier inspections he did not
have occasion to check the trailing cable.

Essie "P. J," Holland was the continuous miner operator
on the evening Maggard was discharged.  He observed that his
trailing cable, the one Maggard was pulling, was not in good
condition that evening.  Bare copper wires were exposed and
"sticking out" and the cable was smoking where the floor was
wet.  Maggard was only 10 feet away when Holland saw him get
"juiced" and knocked into a water hole.  Holland stopped the
miner to see if Maggard was alright.  Champ Muncy was also
present and Maggard told both Holland and Muncy that he had
been "juiced."  According to Holland, Maggard told Champ that
the cable "needed fixing" but Champ responded only that "we've
been down too long and we can't fix it now."  Holland also
overheard Champ turn down Maggard1s request for alternate
work.  Maggard then left the section and about 5 minutes
later Hobert Turner came to help with the cable.  Holland
himself had been shocked while handling the cable only 2
weeks before.  He too had told Champ about being shocked and
Champ complained that the company would not give him anything
to fix it with.

MSHA electrical supervisor Henry standafer testified
that even a pin hole in a trailing cable in a wet atmosphere
could result in fatal electrical shock up to 15 feet away.
Such a shock could also result in irregular heart beat,
slurred speach and pain in the limbs.  According to Standafer
smoke from a cable splice indicates that the splice was not
properly made and that it is hotter than the rest of the
cable.

811le insulation had been cut off and taped in several
